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P/o C 



Air Conditioning (U) 


Recent commercial power outages have surfaced 
additional air-conditioning problem m\ m | J *” 

commercial power drops, there is an WWicSCTelav 
tha°t g t?oe rat ?U "nr*, veei and »»itch ^Une^LrW 

wh“ poww M?u™r C a n waN° n r lo « lc ) “ <1 «■«* toaet and? 
roauiJe? If' u f approximately 6 minutes is 

o^tlne 1 1 the system begins to operate. This length 
£*«*!!! viU fHow the temperature of the chilled water to 

operation 5 ° and 55 Agrees . In normal 

operation, the logic will sequence on the A/C coiimps*!?nr<s 

one at a time. Since the last modification performed bv 

Hne C tUo r at t a r tlmc e w^rTM* haV ® becn co * in S back on- 

. (O/AItlO) 1 ’ 1 b °“ 0n0 second between each 
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2. Normally, there would he no problem with tbi« 
sequence of operation, but when it occurs while on generator 

izri£iii o x capa“;? ^ r t r h e ; t g ^. t t o h ? “s* 1 sS *°" 

slow, down and unacceptable frequency variation occvr“ '“(U/AIUO) 

Fmrina^ h i? been di scussad with members of your 
Engineering Staff. The purpose of this memorandum i* tT 

n^? lly r f lUeSt ex P edj tious help in the ?a action of ?hi, 
problem, since operation in this mode could potential! v* 
damage other equipment eventually leading to P acSaplete 
station shutdown. (U/AIUO) * complete 
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